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E.O. 11652: GDS 
TAGS: TECH, KS 

SUBJECT: PUMPING EQUIPMENT PROBLEMS AT KO-RI UNIT 1 
REF: SEOUL 7058 

1 . KO-RI UNIT 1 IS PREESENTLY SHUTDOWN FOR DISASSEMBLY OF 
MAIN FEEDWATER PUMP C (ONE OF THREE 50 PERCENT CAPACITY 
FEEDWATER PUMPS OF THE SECODNARY SYSTEM) TO INSPECT CRACKS 
WHICH WERE DETECTED IN THE PUMP HOUSING ON SEPTEMBER 6. 

AT THIS TIME NO ASSESSMENT OF THE EXTENT OF CAUSE OF 
CRACKING HAS BEEN MADE BUT REPAIR OF ALL THREE OF THESE 
MAJOR COMPONENTS, IF CRACKING IS FOUND TO BE DESIGN OR 
MATERIAL RELATED, COULD APPRECIABLY DELAY STARTUP TEST- 
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ING. APPRECIABLE DELAY WOULD NOT OCCUR IF PUMP CRACK- 
ING IS RELATED TO A FLAW IN THE CASING OR OTHER UNIQUE 
CAUSE. 

2. EARLIER PROBLEMS WITH SECONDARY SYSTEM PUMPS INCLUDED 
A) REPAIR OF FOUR CIRCULATING WATER (CONDENSER COOLING) 

PUMPS WHICH HAD FAILED (BEARINGS AND GEAR TRAIN) DUE TO 
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CAVITATION INDUCED VIBRATION AND B) MALFUNCTION OF A 
SEAL WATER PUMP (DUE TO ELECTRICAL CONTROL CIRCUIT 
PROBLEMS) OF A MAIN FEEDWATER PUMP. 

3. PUMP PROBLEMS ENCOUNTERED DURING STARTUP TESTING 
OF THE PRIMARY SYSTEM INCLUDE: A) EXCESSIVE WEAR OF BEAR- 
INGS ON COMPONENT COOLING PUMPS B) BEARING REPLACEMENT 
ON AUXILARY WATER PUMPS C) REPLACEMENT OF RESIDUAL HEAT 
REMOVAL PUMPS (TWO) BECAUSE OF CORROSION IN REGION OF 
GRAPHITE BEARINGS. 
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